-EXISTING FEDERAL PACIFIC. IGOOA ALUU 
PAIRED PHASE BUSWAY REMAIN 


CABLE TAP SOX 
(TYPICAL) 


EXISTING BunJWG GROUNO BUS 


(2) 90T OFFSETS (DOWN 
IN ELEVATION) 


PE #6 


CONDUITS TURNLVC 
UP (TYP) 


pe #: 


CONDUITS RiRWNC 
'DOWN SEE SECTION 
8-8. 


TIE BUSWAY 
INTO EX1SHNC 
SWITCHBOARD 



I — I 


SU BSTATION ISS-7 53 


PE 


SEE GENERAL 
NOTE #16. 
DWG E-1 


PE #9 


existing high voltage 

FEEDER- ■ 


EXISTING TRANSFORMER 
I5O0KVA. I J 8KV- 


5-4' COTS, 4-SOGvCCUJL 
4t l-SOOKCMIL CNO WIRE 


SWEEP CONDUITS 
ABOVE EXISTING 
CONDUITS IN 
SUBSTATION ROOM 


(2) 90* OFFSETS (UP 
IN ELEVATION) 


PARTIAL PLAN 75th. FLOOR SOUTH 


(2) 90" OFFSETS (DOWN 
(N ELEVATION) 


2000A. COPPER FEEDER 
BUSWAY, SEE GENERAL 
NOTE #6. DWG E-i 


SECURE TO 

BUILDING 

STRUCTURAL 

beams: SEE 

DETAC DWG. 
§t~74 Sc 

ARCH DWGS 


2000A, COPPER FEEDER 
BUSWAY. SEE GENERAL 
NOTE #S, DWG E-1 

TRANSITION BOX 


TIE INTO EXISTING SWITCHBOARD 
BUS. PROVIDE NEW BUS DETAIL 
AS REQUIRED 



fl 


SEE ARCH DWG S 
("Oft ACCESS PANEL 
DETAIL 


EXISTING 480/2 77V 
SWIT-WBOAPO (TYP) 


SECTION A-A 


NOTES: 


t. SEE DRAWING E-1 FOR BUSWAY SCHEDULE & GENERAL NOTES 

2. TRANSFORMERS & SWITCHBOARDS WILL BE LIVE DURING INSTALLATION 


(5) 4" CONDUITS 
FOR LOWER 
FLOOR 8USDUCT 


CUT & REMOVE 
EXIST CONDUIT 


SPUCE BOX 

REROUTE EXISTING 
CONDUIT AROUND 
NEW CONDUITS 



(5) 4" CONDUITS 
FOR UPPER 

aooR BUSDUCT 


3/4" C 


SHAFT & 
ELEC CL 
AREAS 


SUBST AT IO N 
SS-75S 


SEE RISER DRAWING E-16 & 
DWG E-!5 POR CONTINUATION 

UP TO CABLE SUPPORT 
BOX ON 45TH FLOOR 

10 RESPECTIVE CABLE 
TOP BOX 


S-4- CONDUITS. 4#500XCM!L A 
I #4/0 GND WIRE 


CABLE SUPPORT 
BOX. NEMA TYPE *, 
3ff"X3g"Xlff"D WITH 
COVERS ON FRONT 
AND BACK 


S i™ CONDUITS. <#SO0KCM»l * 


l#4/0 GND WIRE 


SECTION B-B 


SEE RISER DWG E-16 St 
DWG C-15 FOR 


(»2) 3/4"C 
4 SPARES 


SECTION C-C 


EXISUNC 
15KVA 
TRANS r 


t 


ONE WORlP 
TRADE 


TWO WORLD 
TRADE - 


Sheet 


3i « 4- 



<SE?ER7©GkD 
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'ate 

LOW VOLTAGE DISTRIBUTION 

ONE WTC 

ELECTRICAL 
75TH FLOOR 

SOUTH SIDE 
BUS & RISER CABLE LAYOUT 
(SUBSTATION SS-75S) 


WTC-804.041 


E-14 


H-278-3 


warn 


wmgmmmm 


